DOWN TO ORCUfT BREAKER 
#32-2. SEE SCHEDULE 
ON THIS DRNMNG FOR 
FEEDER SGEE 


SEE RSER DWG E-9 
AND OWC E-3 FOR 
CONTINUATION. 


5-4" CONDUT. 4#S00 
KCML ft 1f»/0 
GROUND WIRE. 


1#4/0 TO BUILDING 
GROUND RISER 

REROUTE EXIST. CONDUITS 
AROUND CABLE TAP BOX 


SPUCE BOX 
OVPICAL). - 


ROUTE CONDUITS 
THRU STEEL TRUSS 



DOWN TO CIRCUIT BREAKER 
132-3. SEE SCHEDULE 
THIS DRAWING FOR 
FEEDER SIZE 


ff 

FEE 
DO* 

& 


REMOVE 2 EXIST PLUG-IN 
DISC. SWITCHES ft RE-INSTALL 
AFTER COMPLETION OF ELECTRIC 
CLOSET WORK. 


EXISTING 1600A 
BUSWAY TO REMAIN. 


SPECIAL OFFSET 
CABLE TAP 
SOX IN HUNG 
CEKJNG AREA 
TYPE D* 


DOWN 90 CIRCUIT BREAKER 
132-1. SEE SCHEDULE 
THIS DRAWING FOR 
FEEDER SIZE 
I 

EXSTJNC 120/20SV 
BUSWAY TO REMAIN 

DOST. PANELBOARD 
TO REMAIN (TYP) 

2000A COPPER BUSWAY. 
SEE GENERAL NOTE #7. 
DWG E-1. 

(8) CONDUITS 
TO REMAIN 

REROUTE EXIST. CONDUITS 
AROUND CABLE TAP BOX 


EXIST SPRINKLER 
MAIN TO REMAIN 


CABLE TAP BOX. 



HOLLOW- BUSWAY 
ENCLOSURE 10 ATTACH TO 
EX6TMC BUSWAY FOR 
STRUCTURAL SUPPORT. 
CAP EXJSTMG BUSWAY. 

ULTUZE EXISTING flUSWAY 
FLOOR SUPPOffT. 


t. SEE DRAWING E-1 FOR GENERAL NOTES AND BUSWAY SCHEDULE. 


CAP BUSWAY 


DISCONNECT ft REMOVE EXISTING 


CEILING 
CONSTRUCTION 

SHEETROCK 


EXISTING 
DOOR 

TO EXISTING 
LIGHTING PANEL. 


TRANSITION BOX 


1600A, 4JW/277V 
ALUMINUM, PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSOUCT. 


PLUG— IN FUSED SWITCHES AND 
REPLACE WITH PLUG M CffiCftT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

TO TENANT SPACE PANEL 


TO EXIST DISTRIBUTION PANEL. 
3200 fUMffi 



BUS* 

m 8VHT 

m REPU CEMENT SCHEDULE 

I 

EXIST, sa. 
-Sff. 

EXIST. FUSE 

-MM , 

NEW BREAKER 

RATING 

NEW 

NEW 
COT_ 

REMARKS 

32-1 

200A 

12SA 

22SAF/129AT 

4|1 CU 

1 Var 


32-2 

200A 

200A 

22SAF/200AT 

4#3/0 CU 

T 


32-3 

200A 

12SA 

22SAF/129AT 

4|1 CU 

1 Var 
























32 NORTH PLAN 


NOTES- 

1. TRACE ROUTING ft EQUIPMENT OF ALL RELOCATED CONDUITS 
PRIOR TO CUTTING. 


SEE GENERAL 
NOTE #9. DWG E-1. 


-REMOVE EXISTING PLUC-IN SWITCHES 
FROM EXISTING BUSWAY ft REINSTALL 
AFTER INSTALLATION OF REPLACEMENT 
BUSWAY. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 

'REMOVE EXISTING 1600A ALUMINUM BUSWAY. 
SEE GENERAL NOTE |T3 ft 14 DWG E-1. 


EXIST 1600A BUSWAY 
TO REMAIN (TYP) 

31«t FLOOR 


32nd FLOOR SECTION A-A 
& PART RISER 


WALL 
CONSTR 


SHAFT 


SHAFT 


SHAFT 


ELECTRIC 
CLQ9 ET 


EXISTING SPRINKLER— I 
HEAD TO REMAIN 



^-Exisnr 


r 


32 WORTH - LIGHTING PLAN 


RELOCATE LIGHT 
FIXTURE. 


iTE WITH ARCHITECT FOR EXACT LOCATION OF RELOCATED LIGHT FIXTURES. 

2. COORDINATE LOCATION OF FIXTURES WITH MECHANICAL DUCTS ft STRUCTURAL 
TRUSS ABOVE. 


1NG FIXTURE 
TO REMAIN 


RELOCATED FIXTURE- 
EXTEND EXISTING 
ORCumNG AS 
REQUIRED. 


1 


SHAFT 
ELEC. CL 
AREAS 


Otg WORLD 
TRADE 


t 


J 


WQffi AREA KEY PLAN 


SUM! 


Zi « 41 
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EDWARDS and ZUCK, P.C. 

CONSUUMG ENGJNEERS 

jwESm-Smw* "* ***** 
©ice e*m* mt 2wjc 



Awjnwd 


».2_ 

mmm 


r-- 



TiOt 


LOW VOLTAGE MSTMBUTION 

ONE wrc 

ELEPTWCAL 


north mm 


bjectwc ctotrr part plan 


Thi* drawing fubfict Co nuMHon in contract. 
All tfMtntiOM, rfiMi dMlgra C'.i nMrthodv 
tMftlfi Of* fSMTMtd to Potk Authority ond 
m« not ta» uom( Mthowt it* wrttMn cenwnL 


fil/CAP MW/CADO, 
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Dot* 10/4/93 
Contract Ainktr 

WTC-S A 4.041 
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